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type. Thin asbestos board is used as the jointing material.
Sometimes a great deal of difficulty is experienced in
making a sound joint with this type of packing, and it
usually requires frequent renewal when the strainers are
opened up at frequent intervals for cleaning. This trouble
can be overcome by packing the groove with soft packing
such as is used for pump spindles.
The- suction strainer plates or baskets arc usually about
J-inch thick, and are perforated with jf-inch holes, i-inch
pitch.
The areas through the holes should be from 8 to 4 times
the area of the suction pipe. This permits of an unre-
stricted flow when the strainer in partially choked, and
eliminates the necessity for frequent cleaning.
Cold Filters and Hot Filters.
These are usually identical in design. They are placed
on the delivery Hide of the fuel pump so that the oil is
forced through them under a pressure of from 35 to 135
Ibs. per sq. inch.
A much stouter design is therefore roquirod than was
tho case with the suction strainers.
.Frequent cases occur of tho collapse of tho baskets in
these filters due to insufficient strength or improper support.
The baskets of oil filters arc of wire gauze to give a
sufficiently line mesh for tho complete removal of all particles
of solid matter. It is important, therefore, that adequate
support be given to keep the baskets in shape under the
pressure of the oil.
Pig. 15 shews a very noat design of fuel oil filter. There
are two baskets, ono within the other. The oil first passes